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IvJJSS* J° ^^K**- DRAWINGS FOR GENERAL LOCATIONS, DETAILS AND 
SPECIFICATIONS OF THE SMOKE DETECTORS. * 

2. ALL SMOKE DETECTION DCMCES SHALL BE INSTALLED AS SHOWN ON 
DRAWING £-17 AND IN CONFORMANCE WITH MANUFACTURER'S 
RECOMMENDATIONS. 

3. SMOKE DETECTORS TO BE INSTALLED IN FRONT OF RETURN AIR 

SXy^Sf smjL BZ ° ESIGNE ° F0R H 'CH AIR VELOCITY application. 
WITH A RANGE FROM 0 TO 1.200 FEET PER MINUTE. 

4. THE CONTRACTOR SHALL FIELD VERIFY, AND OBTAIN APPROVAL BY THE 
ENGINEER. THE EXACT LOCATION AND THE NUMBER OF SMOKE DETECTORS 
NECESSARY PRIOR TO THE INSTALLATION. 

5\J H i : Jf l>CEMENT AND NUMBER OF THE SMOKE DETECTORS WITH RESPECT TO 
THE RETURN AIR OPENING SHALL BE INSTALLED AS SHOWN ON THE TYPICAL 
ARRANGEMENT PART PLANS AND ELEVATIONS. THE CONTRACTOR SHALL NOTIFY 
P1 E E ^iNEER OF ANY DEVIATIONS FROM THE TYPICAL DETAILS OUE TO ACTUAL 
FIELD CONDITION. AND INSTALL THE NECESSARY SMOKE DETECTORS AS 
DIRECTED BY THE ENGINEER. 

6. FOR OPENING WHERE SMOKE DETECTION IS REQUIRED. SMOKE DETECTORS 
SHALL BE INSTALLED 8* IN FRONT OF THE RETURN AIR OPENING AND AT THE 
CENTERUNE OF THE OPENING HEIGHT. INSTALL ONE (1) SMOKE DETECTOR FOR 
OPENING WITH WIDTH EQUAL OR LESS THAN 36", SEE TYPICAL ^ARRANGEMENT 
ELEVATION 'X'; INSTALL TWO (2) SMOKE DETECTORS FOR OPENING WITH WIDTH 
GREATER THAN. 36', SEE TYPICAL ARRANGEMENT ELEVATION V. 

7. FOR RETURN AIR DUCT WITH A SINGLE OPENING, INSTALL SMOKE 
DETECT0R(3) AS SHOWN ON TYPICAL ARRANGEMENT PART PLANS '1A' AND MB' 
AND IN ACCORDANCE TO NOTE #6. 

8. FOR RETURN AIR DUCT WITH TWO OPENINGS. INSTALL SMOKE DETECTOR(S) 
ONLY IN FRONT OF THE SMALLER OPENING AS SHOWN ON TYPICAL 
ARRANGEMENT PART PLANS '2A* AND '20* AND IN ACCORDANCE TO NOTE #6. 

9. FOR RETURN AIR DUCT WITH THREE OPENINGS, INSTALL SMOKE DETECTORfS) 
ONLY IN FRONT OF THE OPENING AS SHOWN ON TYPICAL ARRANGEMENT PART 
PLAN '3* AND IN ACCORDANCE TO NOTE #6. 

10. DO NOT INSTALL SMOKE DETECTORS AT TRANSFER AIR OR SUPPLY AIR 
OPENINGS. 

11. ANY WORK TO BE PERFORMED THAT REQUIRES AN HVAC EQUIPMENT 
SHUTDOWN OR INTERRUPTION TO NORMAL OPERATION SHALL BE PERFORMED 
DURING OFF-HOURS. OR AS DIRECTED BY THE ENGINEER. THE CONTRACTOR 
SHALL NOTIFY THE AUTHORITY OF ANY EQUIPMENT SHUTDOWN 48 HOURS PRIOR 
TO THE FIELD WORK. 

12. REFER TO REFERENCE DRAWING REF-M-1 FOR THE PROPOSED SMOKE 
DETECTORS ADDRESS ASSICNMEMT. 
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